Mr. Sanders confirmed that there were no reported acci-
dents concerning the lack of grounding, and he_ could not
state why previous inspections did not result in the issuance
of any violations for the condition.  He also confirmed that
the condition could have been abated earlier by the respon-
dent, and that his abatement was made after he later visited
the plant and found that the condition had been corrected,

Mr. Sanders stated that a ground fault interceptor cir-
cuit could serve as "equivalent protection," but that such an
alternative was not installed or in use at the time he viewed
the cited conditions.

Citation No. 2240702

Inspector Sanders testified that he issued the violation
after determining that the respondent had not conducted any
grounding tests for its plant electrical equipment as
required by mandatory standard section 56.12-28,  He stated
that plant foreman Murphy had no knowledge that the test had
been done and he could not produce the test records when
asked.

Mr. Sanders stated that the hazards resulting from the
failure to conduct the required tests are the same as those
resulting from the previous violation No. 2240701.  Had the
test been conducted annually as required by the standard, the
lack of proper grounding would have been detected.

Mr. Sanders stated that the violation was abated after
the respondent retained a knowledgeable independent contrac-
tor to conduct the test, and after the records of the test
were retained at the plant office.  Mr. Sanders confirmed
that he reviewed the test results and was satisfied that com-
pliance had been achieved.  He also confirmed that he left
written instructions with foreman Murphy as to how to conduct
the required ohm resistance test.
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Citation No. 2241058

Inspector Sanders testified that he issued the violation
after finding inadequate foot brakes on an Allis-Chalmers
front-end loader being operated at the plant.  The loader was
used to clean up and load materials, and other trucks were
operating in the vicinity of the loader.  Mr. Sanders stated
that he asked the loader operator to drive the loader in a provided for in section
